LOCUS MAP 


NOT TO SCALE 


SOIL CLASS: 
(SOURCE: USDA—SCS SOIL SURVEY) 


BENCH MARKS: patum = ASSUMED 

#1 SET HUB EL 50.0 

#2 SET NAIL TREE EL 50.39 
E o 
DESIGN INTENT: 


1. THE BOTTOM OF THE EFFLUENT DISPOSAL SYSTEM 
SHALL BE CONSTRUCTED AT ELEVATION 48.0 


2. THERE IS/ARE APPROX_30"_ FT_BELOW ORIGINAL 
GROUND ON THE HIGH CONTOUR THE DESIGNED EDS. Ea 


SUITABLE REPLACEMENT AREA: 
SYSTEM MUST BE REBUILT IN PLACE OR REDESIGNED. 
LEGEND: 


510 HOOSIC 


) 


ATT 5go EXISTING CONTOUR 
2 S0) — -< PROPOSED CONTOUR 
50.0 EXISTING SPOT ELEVATION 
PROPOSED SPOT ELEVATION 
NOTES: 


1. THIS PLAN IS NOT TO BE CONSTRUED AS A 
BOUNDARY SURVEY. PROPERTY LINES SHOWN 
ARE APPROXIMATED BASED ON INFORMATION 
FROM THE FOLLOWING SOURCE: 

RCRD 5280—1457, RCRD PLAN D2773, D4604 
BOUNDARY SURVEY 1971 BY OTHERS 


2. EXISTING HOUSE 200 YRS + 
LOT APPROVED BY TOWN NORTH HAMPTON 1971 


NHDES SUBDIVISION APPROVAL «PENBINC SA 20130/0182 


3. THIS SYSTEM IS NOT DESIGNED TO HANDLE 
GARBAGE DISPOSAL, JACUZZI BATH, OR SEWAGE 
EJECTOR PUMP WASTE. 

BACKWASH FROM WATER SOFTENER SYSTEMS SHOULD 
BE DISCHARGED TO A SEPARATE DRYWELL. 


4. a) NO SURFACE WATER WITHIN 25 
b) NO WELLS MAN LE O SEn 
c) NO HYDRIC B SOILS WITHIN 25 


d) NO HYDRIC A SOILS WITHIN 75 SYSTEM 

Q SOILS 

5 va io 510-HOOSIC 

y : . 295—GREENWOOD 

i ; È 97—GREENWOOD 
D L2 59 OSSIPPEE 
Y) 
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«" LOT AREA: 


PLOT PLAN 


N/F WOOD 
LOT CONTAINS 34,000 SF+ 510 1”=APPROX 
(GROUP 1) SOIL PER SCS SOIL SURVEY 100' 


20000 SF MIN REQUIRED GROUP 1 
(WITH TOWN WATER) 


ZABEL FILTER MAY BE USED AT 


SYSTEM OWNER IS RESPONSIBLE FOR THE FOLLOWING OPERATING REQUIREMENTS 


ENV=WS 1023.01 (a) SEPTIC TANKS SHALL BE INSPECTED FOR ACCUMULATION OF SLUDGE AND SURFACE SCUM AT LEAST ONCE EVERY YEAR. 
b) WHEN THE COMBINED THICKNESS OF SLUDGE AND SURFACE SCUM EQUAL 1/3 OR MORE OF THE TANK DEPTH, THE TANK 
SHALL BE PUMPED BY A LICENSED SEPTIC TANK PUMPER. 
ENV-WS 1023.02 TO PREVENT OBSTRUCTION OF THE DISTRIBUTION LINES AND LEACH FIELD, GREASE AND BULKY WASTE SHALL NOT BE 
FLUSHED OR OTHERMSE INTRODUCED INTO THE SEPTIC SYSTEM. 


NOTE: INSTALLATION SPECIFICATIONS OUTLINED IN 


ANY COMPONENT OF THE ISDS OR WELL 


ENV-WS 1023.03 TOXIC AND HAZARDOUS MATERIALS SHALL NOT BE FLUSHED OR OTHERMSE INTRODUCED INTO THE SEPTIC SYSTEM. 
ENV-WS 1023.04 TO PREVENT DAMAGE TO THE DISTRIBUTION LINES AND LEACH FIELD, VEHICLES, LIVESTOCK, AND OTHER HEAVY OBJECTS SHALL 
NOT BE ALLOWED ON THE LEACH FIELD. 


ENV—-WS 1023.05 IF WET AREAS APPEAR ON THE GROUND SURFACE ABOVE THE DISTRIBUTION LINES OR LEACH FIELD OR IF DISAGREEABLE ODORS OCCUR, 


THE SYSTEM SHALL BE INSPECTED FOR THE SOURCE OF THESE PROBLEMS, AND CORRECTIVE ACTION SHALL BE TAKEN. 


DISCRETION OF OWNER /INSTALLER. SUBDIVISION AND INDIVIDUAL SEWAGE DISPOSAL SYSTEM 5' FILL EXT 
4” SOLID PIPE PLAN SHOULD BE AMENDED PRIOR DESIGN RULES (Env-Wq 1000) ARE INCLUDED AS LOAM AND SEED FG [a = 
EXISTING FLOOR ELEVATION MIN SCH 40 TO INSPECTION IF FILTER IS LAYER OF FG EL. PART OF THIS DESIGN BY REFERENCE. ANYONE WHO INSTALLS z j 
AT DOOR = EL 52.1 MIN SLOPE= 1/4"PER FT INSTALLED. y FILTER FABRIC THIS SYSTEM MUST KNOW AND ADHERE TO THESE RULES. MIN 12”/ MAX 18” COVER 
MIN SCH Hi EENE 50.0 (SYSTEM WITH MORE THAN 18” COVER 
— INV EL. MIN 1/8”PER FT A MUST BE VENTED) 
a 49.15 INV EL. E LOAM AND SEED FG el 
| PL OSOS 48.67 HE MIN 12"/ MAX 18" COVER 4" DIST. “o, 
N N N 
\ S N Sl [ZZZZZZZZZZZZZZIZIZZZZ ZA DR RA NENE. Lt 
\ 8 N N ALI A A È 
INV EL. N N N A 7 E A Ò 
S SEPTIC TANK Y N \w e RRRA] NCS ] 
49.50 Ñ 1500 S £ >, 6” UNDER 
EXISTING DIRT FLOOR N atM GAG Ņ  48:90_ | 30 | A PIPE 
ELEVATION VARIES Ñ PO VEO: AE À p-gox $” UNDER BED TO MEET SPECS IN ENV—WQ 1021.03 nas IPJI IP IITTI TTTIT TAO. 
N N IPFITIFTI TIP TI TIFI TIA TITIFITT. n 4” PERFORATED PIPE 
NEEE E UNDER DRIVE OR PAVEMENT Ñ OR APPROVED EQUAL EE y RESTRICTE HOAT COLLARS 
REMOVE TOPSOIL AND ORGANIC MATERIAL. BLANKET OF 
USE NON—SHRINK MORTAR SEALANT 1 INLETS RAKE RECEIVING SOIL PRIOR TO PLACING FILL. HEAVY SOIL PASER 
NO FOUNDATION OR AFFROVED EQUAL 5 OUTLETS FILL MATERIAL BELOW BED AND THROUGHOUT FILL 25' TOTAL WIDTH 
~  DRAINS PLUG ALL UNUSED OPENINGS EXTENSION TO MEET SPECIFICATIONS OUTLINED 
IN ENV-WQ 1021.03. STONE TO MEET SPECIFICATIONS 
OUTLINED IN ENV—-WQ 1016.04 
y) ) 
. — TP 
PLAN : 1 =20 $ TEST PIT DATA 
DATE: MAY 29, 2013 
TOWN INSPECTOR: MIKE CUOMO 
TEST PIT 41 EL 50.0 
O —10” TOPSOIL AND ROOT MAT, TO BE REMOVED 
10-30” 10YR5/6 GRAVELLY FINE SANDY LOAM 
GRANULAR FRIABLE 
30-72” 2.5Y5/4 GRAVELLY SAND 
GRANULAR FRIABLE 
72-100” 2.5Y6/3 FINE TO MEDIUM SAND 
GRANULAR FRIABLE 
N/F MCNABB 
NO EVIDENCE OF SHWT, NO REFUSAL 
X A PT 
PA S PERC TEST DATA 
S 
EL 50.39 z | | | \ y PERC RATE: _2 MIN/IN DEPTH: _30” 
, [e] . 
E $ Vi : 
: a Ñ l DESIGN LOADING: 4 BEDROOMS 
: A 1 A o 
E O O e E SS EE A E \ an D. AREA REQUIRED: 790 SF REQUIRED 
: a n E © | 
: a AN . SN 25' X 30' = 750 SF PROVIDED 
: 2 X A 2 AREA PROPOSED: 
i w D EN 4 ) 
FI | d \ N Y . IN 16 SS 
: EXISTING Sk Ñ . pal 5’ (DER 99 
: 4 BEDROOM : 1 RR D) a PROPOSED REPLACEMENT 
. D) 
| La a SEPTIC SYSTEM PLAN 
TANKS TO BE \ ; CLASS .  —___—_— == 
: sde o TEER ; 295 153 POST ROAD 
a | LOCUS: 
m | A b LOT AREA: NORTH HAMPTON, NH 
S | \ 1.7 ACRES TAX MAP 18 LOT 9 
la / a LAN PER RCRD PLAN D2773 
~ 
i SIN JE apn \ RCRD PLAN D4604 MARYKA B. FORD REVOCABLE TRUST 
| KS / 2, | TAX MAP 18 LOT 9 DENNIS F. CASEY REVOCABLE TRUST 
¿DN Co . 
IS CAN eS | ; 5 DESIGNER MUST BE CONSULTED FOR ANY PROPOSED 153 POST ROAD 
IS y 7 a E CHANGES OR od ES DURING k 
: 1? a K SYSTEM INSTALLATION. (603 929-7404 
Ñ U O / Ne “D N INSTALLER IS RESPONSIBLE FOR ANY TOWN PERMITS OR AOR I ICON gaan 
e — Z< — ES % E INSPECTIONS REQUIRED FOR THIS INSTALLATION. 
SET 4 4b— Mm yd qu SOIL CLASS LINE SHOWN IS 
à PEN c % Pena ogg rd tt pa APO 6. PROPOSED ISDS IS DESIGNED TO SERVICE Re] APPLICANT: 
is NO DELINEATION PERFORMED 1 STRUCTURE WITH DISHWASHER, WASHING SN Tin STOCKTON SERVICES 
pao saan ES ACTUAL SITE CONDITIONS MACHINE, TOILETS, AND TUB/SHOWERS. $” Designer A 
SOIL > g PO BOX 1306 
EA ARE LESS RESTRICTIVE. THERE IS NO KNOWN BURIAL SITE OR CEMETERY of 
LAWN 510 ON THE LOT OR THE ABUTTING LOT WITHIN 100' OF HAMPTON, NH 03843-1306 
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603 929-7404 


DATE: JUNE 13, 2013 
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APPROVAL: 


